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ABSTRACT 


Reactive power compensation is an essential part of a power system and the 
static synchronous compensator (STATCOM) plays an important role in 
controlling the reactive power flow over the transmission line. The basic 
building block of the STATCOM is a voltage source inverter (VSI) that 
generates a synchronous sinusoidal voltage and because of the high MVA 
ratings, it would be expensive to provide independent, equal, regulated dc 
voltage sources to power the multilevel converters which are presently 
proposed for STATCOMs. Dc voltage sources can be derived from the dc 
link capacitances which are charged by the rectified ac power. In this paper a 
new stronger control combined of nonlinear control based Lyapunov’s 
theorem and Ant Colony Algorithm (ACA) to maintain stability of multilevel 


Multi levels inverter STATCOM and the utility. 


NPC topology 

STATCOM Copyright © 2019 Institute of Advanced Engineering and Science. 
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1, INTRODUCTION 

In 1981, a prototype of an advanced static var compensator, based on force-commutated thyristor 
technology, was fit reported in the literature [1]. From this prototype, a few units of the STATCOMs based on 
gate-turn-off thyristors (GTOs), rated around 100 Mvar, have been in service as demonstration models in 
Japan and in USA [2-3]. Anticipating the days when GTOs can switch at a faster rate, other research groups, 
mainly from universities, have explored STATCOM concepts based on pulse-width modulation (PWM) 
techniques [4].Recently, there has been a recognition that the multilevel converter has distinct advantages 
over the conventional two level converter and several research groups have begin studies to apply it to make 
the STATCOM more compact and economical [5-6]. To date, the studies have assumed the availability of 
equal, regulated, dc voltage sources which feed the multilevel converter. 

In the control part, the most complete contribution to the stability analysis of nonlinear dynamical 
systems is due to Lyapunov. Lyapunov’s results provide a powerful framework for analyzing the stability of 
nonlinear dynamical systems. Lyapunov methods have also been used by control system designers to obtain 
stabilizing feedback controllers fornonlinear systems [7-8]. The ant colony algorithm (ACA), a new analog 
evolutionary algorithm, is proposed by Marco Dorigo and his co-workers. Since having features of positive 
feedback, strong robust and parallel processing, the algorithm has solved traveling salesman problem (TSP), 
quadratic assignment problem (QAP) and job-shop scheduling problem (JSSP) and so on [9-10]. 

The research of this paper is to improve the stability of STATCOM, when it is under a very complex 
structure state such as the nine levels NPC topology[11-12],the problem is the nature of this multilevel 
structure specialy the DC bus which may suffer from the association of many capacitors [13-14].We propose 
to usean optimal technic of DC link voltage using ACA applied in the parameter optimization of PI regulator 
[15], cascaded to a robust control of powers such as the theory of Lyapunov. 
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2.2 NINE LEVELS VSI BASED STATCOM 
Among the methods used in the control of the STATCOM, the method of instantaneous power 


control is based on a cascade control based two loops: external in order to stabilize the DC link voltage; this 
last pilot that controls the inner loop control currents which are images of powers. Schema of nine levels 


STATCOM with PI control as shown in Figure 1. 
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Figure 1. Schema of nine levels STATCOM with PI control 
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The structure of the neutral point clamped nine levels voltage inverter armconsists of eight 
secondary sources of DC voltage of value E/ 8, twelve IGBT switches and diodes ten looping [16-17]. 
The function of connecting half - arms defines the relation are as follows: 
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The potentials of nodes A, B and C of the inverter compared to the midpoint "M" are expressed as 


shown in (2). 
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In order to control gates of this converter, we use the Multiple Triangle Modulation (MTPWM) 
strategy of the seven-level NPC VSI which is formed of eight triangular signals control the pulse of each 


bridge through two factors: 
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a. The factor of regulation r=V*/Vp 
b. The modulation fraction m=fp/f* 


3. MULTIVARIABLE OPTIMAL CONTROL OF MULTI LEVELS STATCOM 
3.1. Lyapunov’s Function Control 

The control of STATCOM is composed of two loops, external loop which has the role of regulation 
of DC link Voltage and the inner one of the currents control. 

Generally nonlinear systems are presented by the state equation: 


X01) = f(XU,0) (3) 


The stability studies of each non linear system depend of the identification of the state vector x, 
which 1s not determined or fixed [18]. 

In order to solve this problem, a stability theorem is proposed by Lyapunov that he supposed the 
existence of a positive scalar function y(x): 


y(x) > 0, Vx 4 O (4) 


Then the proprieties are verified and (y (0) =0): 


¥(a) = 2? <0, #0 
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The system is stable in order asymptotic 1f: (5) 


j= LZ <0,vx 40 
t 








The system is stable under Lyapunov order or if: (6) 
dy(x 
V(x) = any) <-f.y(x), B > 0; Vx #0 
The system is stable in order exponential if: dt (7) 
The studied system is presented in Figure 2. 
Figure 2. Schema of studied system 
The network equations are as follows: 
. di 
Vis —Vis, = Ray + L.— 
a (8) 


k=1, 2, 3 and x=a, b, c 
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3.2. Ant’s Colony Optimization ACO 

The main idea of Ant’s Colony Algorithm is to model the problem as the search for a minimum cost 
path in a graph that base the evolutionary meta-heuristic algorithm. The behavior of artificial ants is inspired 
from real ants. They lay pheromone trails and choose their path using transition probability. Ants prefer to 
move to nodes which are connected by short edges with a high among of pheromone. The algorithm has 
solved traveling salesman problem (TSP), quadratic assignment problem (QAP) and job-shop scheduling 
problem (JSSP) and so on. 

The problem must be mapped into a weighted graph, so the ants can cover the problem to find a 
solution. The ants are driven by a probability rule to choose their solution to the problem (called a tour). The 
probability rule (called Pseudo-Random-Proportional Action Choice Rule) between two nodes 1 and j [9]. 
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The heuristic factor nj or visibility is related to the specific problem as the inverse of the cost 
function. This factor does not change during algorithm execution; instead the metaheuristic factor Gy (related 
to pheromone which has an initial value CO) is updated after iteration. 

The parameters a and B enable the user to direct the algorithm search in favor of the heuristic or the 
pheromone factor. These two factors are dedicated to every edge between two nodes and weight the solution 
graph. 

The pheromones are updated after a tour is built, in two ways: firstly, the pheromones are subject to 
an evaporation factor p, which allows the ants to forget their past and avoid being trapped in a local 
minimum. Secondly, they are updated in relation to the quality of their tour, where the quality is linked to the 
cost function. 
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Where m is the number of ants, L represents the edges of the solution graph, and Ck is the cost 
function of tour Tk, built by the kth ant. 


3.3. ACO PI for Voltage DC Link Balancing Control 

For a given plant, the problem of designing a PI controller is to adjust the parameters Kp and Ki for 
getting a desired performance of the considered system. Both the amplitude and time duration of the transient 
response must be kept within tolerable or prescribed limits, for this condition, three key indexes performance 
of the transient response are utilized to characterize the performance of PI control system. These key indexes 
maximum overshoot, rise time and integral absolute control error are adopted to create objective function 
which is defined as: 


ie ee a a Pe (17) 
The maximum overshoot is defined as: 


Fos = Vmax — Vss (18) 


Where Ymax characterize the maximum value of y and ¥ss denote the steady-state value of y. For 
represent the function of the rise time is defined as the time required for the step response. Schema of nine 
levels STATCOM with PI control as shown in Figure 3. In the other hand, the integral of the absolute 
magnitude of control error 1s written as: 


;.= | le(t)| dt 
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Figure 3. Schema of nine levels STATCOM with PI control 


Each parameter of Kp and Ki is hinted by 100 nodes respectively and there is resolution 0.0001 
among each node, one node represents a solution value of parameters Kp and Ki [10, 19-21]. 


4. RESULTS AND ANALYSIS 

Under same cases in per unit; we will examine the response of STATCOM and its performances 
using two controls types, firstly we use the classical PI control and secondly we observe the impact when we 
use the optimized control. 

The power network (Vbase= 10kV, Ibase= 110A) is connected to a three phases line (r=4.8Q, 
L=0.1552H) feeding three phases load. As an instability case, a 1320KVAR inductive overload is applied 
between tl=0.3s and t2=1s. The studies are carried out using MATLAB; the studied system is represented 
in Figure 4. 
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Over load 


Figure 4. General representation of studied system 


4.1. PI Control 
4.1.1 Load Side 
Since the breaker opening, the reactive power 1s growth about 0.3pu as shown in Figure 5. 
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Figure 5. Reactive power of load 


4.1.2 STATCOM 

MTPWM control, STATCOM voltage, Control of current (Phase A) and Voltage magnitude control 
as shown in Figure 6-9. Figure 10 shows that the STATCOM try to absorb the variation and the growth of 
reactive power; we can observe 40% of overshoots and a large response time,especially in the case of the 
global DC link voltage. DC link voltage control as shown in Figure 11. 
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Figure 6. MTPWM control 
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Figure 9. Voltage magnitude control Figure 10. Reactive power of STATCOM 
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Figure 11. DC link voltage control 


4.1.3 Source Side 


TheStatcom cannot stop the instability perfectly of the reactive energy to arrive in the network part 


as shown in Figure 12. 
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Figure 12. Reactive power in source side 
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4.2 CO-Lyapunov Control 
4.2.1 Load Side 

Figure 13 shows an increase of reactive power almost 1.42pu. Which is imposed by a current rise; 
the voltage of the region does not change. 
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Figure 13. Reactive power of load 
4.2.2 STATCOM 


The multilevel voltage of Statcom is presented in Figure 15 and MTPWM control as shown 
in Figure 14. 
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Figure 14. MTPWM control Figure 15. STATCOM voltage 


After running, we have the following values: Ki = 0.1457, Kp = 1.5708. 

The introduction of the ACO optimization allowing for removal of the excess with a very short 
response time, it can be seen on Figure 17 compared with Figure 11. Optimization of objective function as 
shown in Figure 16. 
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Figure 16. Optimization of objective function Figure 17. DC link voltage control 


Indonesian J Elec Eng & Comp Sci, Vol. 16, No. 3, December 2019: 1203 - 1212 


Indonesian J Elec Eng & Comp Sci ISSN: 2502-4752 O 1211 


Figures18 and 19 shows that the STATCOM absorb reactive power during the fault to stabilize 
reactive energy. Hence we see that the reactive power and currentwere impoverished during this period. 
Voltage magnitude control as shown in Figure 20. 
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Figure 18. Reactive power of STATCOM Figure 19. Control of current (Phase A) 
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Figure 20. Voltage magnitude control 


4.2.3 Source Side 
As noted in Figure 21 that the reactive power is oriented towards stability without any increase 


because of the robustness of the nonlinear control. So we can conclude that the STATCOM to absorb all the 
default and keep the stability of the network. 
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Figure 21. Reactive power in source side 
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5. CONCLUSION 

We brought this study on the STATCOM which has several advantages: a) Good damping of power 
swings. b) Support voltage in disturbed operating. c) Help the early return to stability. The multi-level 
structure appears as a solution to the limitation of the voltage of IGBT components as well the economic side 
particularly with regard to the transformer. The results obtained using the command of ACO-Lyapunov 
indicates better performances compared to those obtained by conventional control. 
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